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mat on the surface of the sediment chamber which interferes
with proper removal of sediment will be largely prevented.
The grit chamber shall also be provided with a valve to by-pass
the sewer to the creek into wjbich it will flow, in case of necessity.
The septic tanks shall be three in number, built as one struc-
ture, and arranged so that one, two or three may be used at
any time, as may be most advisable to secure the best results.
The connections shall be so that either one of two tanks may
be used alone, or in series with the third tank; or so that two
tanks may be used in multiple either alone, or in series with the
third. Any tank may be cut out of service, or drained, without
interfering with the operation of the others.
From the septic tanks the sewage shall flow to a coarse rock
filter to assist in breaking up or removing undissolved grease
with by-pass and drains to permit removing the rock without
interfering with the operations of the filter beds. (It may be
called an anaerobic filter or a roughing bed.) Connected with
this shall be a by-pass for diverting the septic sewage from the
filter beds to the creek, in case of necessity, and a distributing
well for directing the sewage to the dosing tank, or to any two
of the first set of contact beds, as may be desired. There being
plenty of fall available, there shall be allowed three inches fall
for the piping and connections in the septic tanks and therefrom
to the coarse rock filter, twelve inches across said filter, and
six inches from same to the high water level in the dosing tank.
The dosing tank shall be of the dimensions shown on the
plan as bed A. It shall contain a pair of automatic alternating
siphons, located at opposite ends of it, connected with pipe
lines as shown, so that the alternate doses from the tank may
be directed at will to any two of the first set of contact beds,
one bed of the set being in reserve. The dosing tank shall be
filled to the level of the bottom of the sewer intake pipe with
suitable coarse gravel. There shall be no distributing pipes in
the surface of the gravel, it being the intention to confine such